WTCI-602-P 


the pQmnu^nw&M r £?$W 


Peter C. Culdmark, Jr. 
i,orn Cuy T. Tozzoli 

Dale. March 27, 1981 


Subject WORLD TRADE CENTER - INSTALLATION 


JUWOM3 * WIC 

/■■?R ri:b : :l 

Executive Director 

RECEIVED 


9 


Memorandum 



KINKLLKS 


to C.T. Tozzoli and R.M. Monti, 


ncie»cnc.c- Buckslip - P.C. Goldma 
dated 3/18/81 

Cr»;»ytr;, R- DiChiara, R. Monti , H. Sherman, C. Vasquez , C. Wahlberg 



\ 


\yy " "In response to your "Blue Bullet" dnted Mnrcb 18, 198] please he 

\> advised that to assure minimal airborne asbestos fiber* during installation 
of sprinklers on chose floor? where asbestos was used as a fireproof inc. 
xa terial (vhich was subsequent 3 y encapsulated so that flaking of the asbestos 
would not occur) the Risk Ilannpncnt Division hns recommended, and I concur, 
that when there fs a possibility of disturbing exist inc sprayed-on asbestos 
f ireproofing, the techniques specified in the U.S. Knvi ronmental Protection 
Agency Guidelines Series EPA -4 50/2-78-014 titled, "Sprjyed Asbestos - Con- 
taining Materials in Buildings" as veil as the guidelines established under 
Section 1910.1001 of" the U.S. Department of Labor Occupational Safety and 
Health Administration (OSIIA) be followed. 
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The publication titled "Sprayed Asbestos - Containing Materials in 
Buildings" includes model conLract specification which will be included in 
those contracts that pro vide for s prinkler installation in areas that con- 
_ tain asbestos fireproofed beams or trusses. This applies only from floors 
9 through (56^iri One WnrJd Irade Center. 

?ln addition, it is our intention to avoid hanging snrinkler pipes 
from beams or trusses that vere fireproofed with asbestos by installing 
3 • hangers secured to the slab. This would greatly minimize and probaly elimi- 
nate disturbance to the asbestos fireproofed beams andj^trusses . 

We plan on taking every precaution possible to ensure the safety 
of tenants and contractors workine in areas that mipht be affected and are 
therefore open to any other stieRcst ions and recommendations staff may have. 
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